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Minister Ministre 
Public Works Canada Travaux publics Canada 


Ottawa, Ontario 
K1A OM2 


March (27ey 1985 


The Honourable Robert René de Cotret, P.C.,M.P. 
President of the Treasury Board 

House of Commons 

Ottawa, Ontario 

K1A 0A6 


My dear Colleague: 


Re: Fire Losses in Government of Canada Properties - 1983 Report 


In accordance with existing policy, I am providing you with the 
captionally identified document as prepared by the Fire Commissioner of 
Canada. A supplementary report covering fire loss data in a more 
detailed format has also been compiled and is available upon request 
from the Office of the Fire Commissioner. 


As in past years, the recorded fire losses relate to the following four 
specific reporting groups: 


a) Federal Departments and Corporations governed by the Government of 
Canada Fire Prevention Regulations; 


b) Proprietary Crown Corporations who voluntarily report their 
losses; 


c) Indian Band properties; and 
d) Department of National Defence. 


In 1983 the number of fire incidents involving Federal property 
continued to decline with 306 reported fires, indicating a 26% 
reduction over the previous year. This is the fourth consecutive year 
wherein this facet of our program has shown improvement, with this 
trend resulting in a 50% decrease in fires over the same period. 
However, coupled with this encouraging decline was a rather significant 
increase in the property dollar loss which actually doubled to 16.2 
million dollars from 8.1 million dollars in 1982. 
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For the third consecutive year, no fire deaths were reported on Federal 
Government occupied property while the 20 injuries resulting from fire 
causes represented a 28% reduction from the previous year. These 
encouraging facts are considered to be a tangible result of the fire 
safety program which the Fire Commissioner of Canada has established in 
liaison with the various departments. 


During the calendar year four major fires resulted in property 
destruction valued at more than 15 million dollars or 94% of the total 
Federal Government fire loss. Details of these incidents are 
Summarized as follows: 


At Inuvik, N.W.T. a 6.1 million dollar fire, attributed to a cutting 
and welding operation, destroyed the main power plant. This created a 
temporary power shortage situation. Insurance was carried on the 
property. 


A fire at Georgetown, P.E.[. caused the destruction of a wharf with 
associated sheds. Damages amounted to 4.4. million dollars; the cause 
was attributed to welding and cutting operations by tenants; recovery 
action is being pursued. 


The Dairy Commission lost butter products valued at 3.8 million dollars 
which was stored in a commercial warehouse in St. Agapit, Québec. 
Suspected cause of the fire was faulty electrical equipment. Insurance 
was carried on the stored products. 


A Public Works barracks occupied by National Defence personnel was 
destroyed by fire in Sardis, B.C. Loss was estimated to be 1.0 million 
dollars; a conviction of arson against an occupant of the barracks 
resulted from the subsequent investigation. 


An examination of the table related to "Property in Relation to Acts or 
Omissions" reveals that three categories were responsible for 
approximately 75% of the total number of fires and 55% of the monetary 
loss. “Arson and Other Set Fires" were the most numerous reported 
incidents, numbering 83, however, the 55 thousand dollar losses 
associated with this cause was not exceptionally high. It is noted 
that many of these incidents occurred in detention facilities. "Misuse 
of Source of Ignition" accounted for 73 fires and 4.5 million dollars 
in damages with cutting and welding operations contributing extensively 
to the large loss. In the third category "Mechanical Failure or 
Malfunction", 72 fires occurred with property destruction amounting to 
39 million dollars. 
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In summary, although the number of reported fires declined 
considerably, the property dollar loss increased significantly. As 
noted, four fires were responsible for a major portion of the monetary 
loss, albeit insurance coverage lessened the actual financial impact. 
Arson related fires continue to plague our statistics, many of these 
incidents occurring in detention facilities. In an effort to combat 
these outbreaks, security staff are being trained in fire prevention 
and suppression tactics. 


Overall, the Fire Commissioner of Canada is continuing, within the 
scope of allotted resources, to enforce engineering building standards, 
inspect Government property and provide training in fire prevention and 
evacuation procedures in order to provide a safe working environment 
for Federal employees. 


Yours truly, 


o<G CEILS 


Roch La Salle 
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TABLE 1 
1974-83 FIRE LOSS SUMMARY 


FEDERAL GOVERNMENT — (Excluding National Defence) 


Total $ Loss Fire 
Year No. of Fires Actual Adjusted Deaths Injuries 
1974 592 3,844 ,850 3,075,880* 2 S 
1975 562 3,417,956 2,460 ,928* 0 = 
1976 592 14,778,374 9,901 ,510* 3 = 
1977 o13 6,623,680 4,106 ,682* 1 = 
1978 Doz 3,485,856 1,986 ,938% Z 54 
1979 601 5eo79 57114 3,057,451 0 47 
1980 533 4,792,490 2,348 ,320* 6 16 
1981 473 122067 ,7/54 12,067 ,754** 0 ot 
1982 413 8,048,507 1,230,007 %* 0 52 
1983 306 16,196,783 13 ,589,100** 0 20 
TOTAL 5,137 79,135,964 59,830,170 14 180 
* Adjusted to 1971 Consumer Price Index 
** Adjusted to 1981 Consumer Price Index 
FEDERAL GOVERNMENT — (Including National Defence) 
Total $ Loss Fire 

Year No. of Fires Actual Adjusted Deaths Injuries 
1974 930 4,995,506 3,996,404% 5 = 
1975 865 Se9514 aL] 2,845 ,020* 1 = 
1976 874 15,148,323 10,149,376* 4 = 
1977 780 659185161 4,289 ,259% 3 = 
1978 819 4.526, 389 2,580 ,041* 4 81 
1979 831 65550 ,707 3,406 ,368* 1 78 
1980 812 RS a SBM a 2,902 ,011* a 39 
1981 750 15.0/17,265 15,071,263** 1 36 
1982 720 9,940,785 8,936 ,766%** 0 49 
1983 497 17°, 667),317 14 ,822 ,878** 0 29 
TOTAL 7,878 90 ,692 ,340 68 ,999 ,386 26 312 


* Adjusted to 1971 Consumer Price Index 
*k Adjusted to 1981 Consumer Price Index 


N.B. Excludes proprietary corporations except CBC (See Table 29) 
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ADJUSTED FIRE LOSSES 1974-1983 
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Adjusted base year 1981 


TABLE 2 


1983 FIRE LOSSES IN DEPARTMENTS 


Departments and Agencies 


DEPARTMENT 


Agriculture 

Communications 

Consumer & Corporate Affairs 
Employment & Immigration 

Energy Mines & Resources 
Environment Canada 

Environment Canada - Parks Canada 
External Affairs 

Finance 

Fisheries and Oceans 


Indian Affairs and North Development 


Industry Trade & Commerce 
Insurance 

Justice 

Labour 

National Health and Welfare 
National Revenue 

Public Works Canada 
Regional Economic Expansion 
Secretary of State 
Solicitor General 

Supply & Services 

Transport — Admin. Services 
Transport —- Air Services 
Transport —- Marine 

Treasury Board 

Veterans Affairs 


BRANCHES DESIGNATED AS DEPTS 


Correctional Services Canada 
National Energy Board 

National Film Board 

National Library 

Office of Chief Electoral Officer 
Privy Council Office 

Public Archives 

Public Service Commission 

Royal Canadian Mounted Police 
Statistics Canada 


No. of 
Fires 


me 


i) 


1S) 
RKPrFHNMONOUNDODWHENOODOONNODOWOFfFWOOW 


—" 
—" 
Oo 


Nh SS SS) eS) (eye) (=) fay SS} 


— 
e 


m— Wo — — 
e ® or. 9 4:6 (2 


e 
NWOOWWWOODO DN 


bo 
° 


0 


Dollar 
Loss 


1,003 
1,148,297 
0 

0 

2 

5,900 

0 

74,962 
4,415,000 
100 

80 


TABLE 2 


1983 FIRE LOSSES IN DEPARTMENTS (Continued) 


No. of Dollar 
Departments and Agencies Fires h Loss 


SCHEDULE ‘'B' — DEPARTMENTAL CORPORATIONS 


Agricultural Stabilization Board 0 0) 0 
Atomic Energy Control Board 0 0 0 
Director of Soldier Settlement 0 70 0 
Director, The Veterans Land Act 0 AD 0 
Economic Council of Canada 0 <0 0 
Fisheries Prices Support Board 0 0 0 
Medical Research Council 0 0 0 
Municipal Development & Loan Board 0 0 0 
National Museums of Canada 0 0 0 
National Research Council 0 i0 0 
Natural SCI/ENG Research Council 0 -0 0 
Science Council of Canada 0 0 0 
Social SCI/Human. Research Council 0 0 0 
SCHEDULE ‘'C' — AGENCY CORPORATIONS 

Atomic Energy of Canada Limited 6 2.0 13816 
Canada Lands Company 0 0 0 
Canada Lands Company (Le Vieux Port 

de Montréal) Ltd. 0 0) 0 
Canada Lands Company (Mirabel) Ltd. 0 <0 0 
Canada Lands Company (Vieux Port de 

de Québec) Inc. 0 a0 0 
Canada Museums Construction Corp. 0 0 0 
Canada Post 8 2.6 61,394 
Canadian Arsenals Limited 0 0 0 
Canadian Commercial Corporation 0 2U 0 
Canadian Dairy Commission Hl oa SWAT eM foto hs 
Canadian Film Development Corp 0 0) 0 
Canadian Livestock Feed Board 0 0 0 
Canadian National (West Indies) 

Steamship Ltd. 0 a0 0 
Canadian Patents & Development Ltd. 0 30 0 
Canadian Salt Fish Corp 0 AG) 0 
Centennial Commission 9 Zao 631 
Crown Assets Disposal Corporation 0 0 0 
Defence Construction (1951) Ltd. 0 Z0 0 
Loto Canada Inc. 0 ol) 0 
Montreal Port Corporation 0 0 0 
National Battlefields Commission 0 50) 0 
National Capital Commission | 346 101,853 
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TABLE 2 


1983 FIRE LOSSES IN DEPARTMENTS (Concluded) 


No. of Dollar 
Departments and Agencies Fires yA Loss vA 


SCHEDULE ‘'C' — AGENCY CORPORATIONS (Cont'd) 


Northern Canada Power Commission 1 : 6,100,000 S747 
Port of Quebec Corporation 0 20 0 0 
Ports Canada 1a 3.6 3,010 0 
Royal Canadian Mint 0 70 0 20 
Uranium Canada Ltd. 0 20 0 20 
Vancouver Port Corporation 0 20 0 40 
SCHEDULE ‘D* — PROPRIETARY 
CORPORATIONS 
Canadian Broadcasting Corporation 2 oid 16,826 ol 
OTHER CORPORATIONS 
National Arts Center Corporation 0 0 0 .0 
TOTAL (Excluding National Defence) 306 100.0 16,196,783 100.0 
National Defence 191 100.0 1,470,534 100.0 


TOTAL (Including National Defence) 497 100.00 17,667,317 100.0 


TABLE 3 


1983 FIRE LOSSES, $1,000 AND OVER 


Organization and Report 
Fire Location Date $ Loss No. Description Cause 
AGRICULTURE 
Saskatchewan May 23 1,200 3 Haystack Improper 
storage 
Ontario - Ottawa Sept. 8 4,100 1 Haystack Unknown 
Area 
CANADIAN BROADCASTING CORPORATION 
Ontario - Excludes Aug. 1 10 ,826 184 Radio/Radar Short Circuit 
Ottawa Area Site 
British Columbia Aug. 24 6,000 185 Radio/TV Unknown 
Studio 
CANADIAN DAIRY COMMISSION 
Quebec —- Excludes Nov. 19 SPS W Lao is) 186 General Short Circuit 
Hull Area Storage 
CORRECTIONAL SERVICES CANADA 
Quebec — Excludes Mar. ll 3,000 308 Prison Fuel Spill 
Hull Area 
Ontario —- Excludes May 11 7,063 226 Prison Misuse of 
Ottawa Area Source of 
Ignition 
Ontario - Excludes June 6 Beod 2 237 Prison Arson 
Ottawa Area 
Manitoba July 22 25,000 249 Prison Arson 
Quebec - Excludes Aug. 18 13,000 259 Prison Misuse of 
Hull Area Source of 
Ignition 
Quebec - Excludes Dec. 15 357.20 298 Prison Mischief 
Hull Area 
Quebec - Excludes Dec. 15 20 ,000 300 Prison Unknown 


Hull Area 


TABLE 3 


1983 FIRE LOSSES, $1,000 AND OVER (Continued) 


Organization and Report 
Fire Location Date S$ Loss No. Description Cause 
EMPLOYMENT AND IMMIGRATION 
Quebec - Excludes Jann rhs 1,000 47 Office Misuse of 
Hull Area Source of 
Ignition 
Manitoba July 30 40,000 6 Office ShorteCircuit 
ENVIRONMENT CANADA — PARKS CANADA 
Quebec —- Excludes June 3 2, 000 19 General Arson 
Hull Area Storage 
N.W.T. — MacKenzie July 16 10,000 22 Dwelling Misuse of 
District Equipment 
Newfoundland Aug. 5 2,600 23 Carpentry SHore-Circure 
Shop 
Nova Scotia OCU. a2 200 , 000 24 Maintenance Unknown 
Shop 
EXTERNAL AFFAIRS 
Outside Canadian Apr. 28 3,000 I3 Living Short Circuit 
Territorial Limits Quarters 
FISHERIES AND OCEANS 
New Brunswick Lan eu2h 275500 37 Laboratories/ Unknown 
Office 
New Brunswick Apr. 24 1,000 38 Wharf Mischief 
British Columbia Aug. 28 1,500 3) Computer Automatic 
Room Control 
Failure 
Newfoundland Oct. 12 4,000 40 General Short. Circuit 
Storage 
Newfoundland OctienZ20 39 ,000 41 Fish Unknown 


Processing 


TABLE 3 


1983 FIRE LOSSES, $1,000 AND OVER (Continued) 


Organization and Report 
Fire Location Date $ Loss No. Description Cause 
INDIAN AFFAIRS AND NORTHERN DEVELOPMENT 
Ontario - Excludes Jan. 10 34,780 26 Dwelling Child playing 
Ottawa Area With Stove 
Ontario —- Excludes Dec. 25 5,000 2 Dwelling Mech./Elec. 
Ottawa Area Failure 
NATIONAL CAPITAL COMMISSION 
Quebec —- Hull Area Jan. 13 1,600 162 Garage Installation 
Deficiency 
Ontario —- Ottawa Feb. 22 1,000 163 Office Misuse of 
Area Source of 
Ignition 
Ontario - Ottawa June ll 7,000 167 Restaurant ShHOTt GLE cure 
Area 
Ontario - Ottawa July 17 22,000 168 Dwelling Misuse of 
Area Equipment 
Ontario — Ottawa Sept. 9 10,000 170 Dwelling Misuse of 
Area Equipment 
Ontario — Ottawa Nov. 12 60,,000° 274 Dwelling Const./Inst. 
Area Deficiency 
NATIONAL REVENUE 
Ontario — Ottawa May 11 1,000 36 Office Unknown 
Area 
NORTHERN CANADA POWER COMMISSION 
NWT - MacKenzie Auge 1 6,100,000 183 Power Plant Welding/ 
District Cutting 
PORTS CANADA 
Quebec —- Excludes May 17 3,000 176 Hangar Misuse of 


Hull Area 


Source of 
Ignition 


10 


Organization and 
Fire Location 
POST OFFICE 


Quebec —- Excludes 
Hull Area 


Ontario —- Excludes 
Ottawa Area 


PUBLIC WORKS 
Manitoba 


Quebec - Excludes 
Hull Area 


British Columbia 
British Columbia 
NWT -— MacKenzie 


District 


Quebec —- Excludes 
Hull Area 


NWT -— MacKenzie 
District 


Quebec - Excludes 
Hull Area 


Quebec - Excludes 
Hull Area e 


Ontario —- Excludes 
Ottawa Area 


New Brunswick 


TABLE 3 


1983 FIRE LOSSES, $1,000 AND OVER (Continued) 


Date 


Apr. 


Ochi. 


Aug. 


CCL. 


OCLs 


Dec. 


Dec. 


Dec. 


Dec. 


Dec. 


10 


Ze 


Na’ 


i 


21 


$ Loss 


60,000 


1,000 


1,000 


12,000 


1,000,000 


20,000 


1,500 


50,000 


2,450 


6 ,000 


40,000 


1,500 


12,000 


Report 


No. 


oy) 


2 


46 


64 


61 


58 


318, 


56 


70 


69 


68 


67 


66 


Description 


Post Office 


Post Office 


Laboratory 


Dwelling 
Military 
Barrack 
Office 
Dwelling 
Metal 
Manufacturing 
Dwelling 
Dwelling 


Dwelling 


Office 


Post Office 


Cause 


Unknown 


Improper 
Storage 


Fuel Spill 


Improper 
Storage 


Arson 
Mech./Elec. 
Failure 


Human Failing 


Unknown 


Part Failure 


Installation 
Deficiency 
Unknown 
Misuse of 
Source of 


Ignition 


Unknown 


TABLE 3 


1983 FIRE LOSSES, $1,000 AND OVER (Continued) 


11 


Organization and 
Fire Location Date 


ROYAL CANADIAN MOUNTED POLICE 


Manitoba July? 27 

Saskatchewan Oct.*28 
STATISTICS CANADA 

Saskatchewan Feb. 5 
SUPPLY AND SERVICES 

Quebec - Hull Area Sept. l 


Quebec - Hull Area Oct. 6 


TRANSPORT — AIR SERVICES 


Quebec —- Excludes Mar. 4 

Hull Area 

Quebec —- Excludes Apr. 20 
Hull Area 

Ontario - Excludes Apr. 29 
Ottawa Area 

Ontario - Excludes June 26 
Ottawa Area 

Ontario - Excludes Nov. 16 
Ottawa Area 

NWT -— Keewatin Nov. 16 
District 

Ontario - Excludes Dec. 23 


Ottawa Area 


$ Loss 


7,500 


1,199 


5,000 


1,600 


4,199 


3,000 


2,000 


50,000 


2,000 


2,500 


9,000 


3,500 


Report 


No. 


150 


LZ 


is3 


ie 


a1 


ay 


105 


107 


be Bs 


136 


137 


143 


Description 


Vehicle 


Vehicle 


Office 


Office/ 
Laboratory 


Laboratory 


Road Sweeper 


Airport 
Passenger 
Terminal 
Power Plant 
Airport 
Washroom 


Terminal 2 


Power Plant 


Dwelling 


General 
Warehouse 


Cause 


Mech./Elec. 
Failure 


Mech./Elec. 
Failure 


Suspected 
Arson 


Suspected 
Incendiarism 


Suspected 
Incendiarism 


Mechanical 
Failure 


Short Circuit 


Short Circuit 


Suspected 
Arson 


Installation 
Deficiency 


Mech./Elec. 
Failure 


Mech./Elec. 
Failure 
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TABLE 3 
1983 FIRE LOSSES, $1,000 AND OVER (Concluded) 
Organization and Report 
Fire Location Date $ Loss No. Description 


TRANSPORT — AIR SERVICES (Cont'd) 


Quebec —- Excludes Dec. 31 1,000 145 Vehicle 
Hull Area 


TRANSPORT — MARINE 


Prince Edward Aug. 5 4,400,000 306 General 
Island Storage 


British Columbia Sept. 4 15,000 146 Dwelling 


Cause 


Mech./Elec. 
Failure 


Misuse of 
Equipment 


Fuel Spill 


TABLE 4 


DEPARTMENTAL LIST OF BUILDING FIRE LOSSES 


No. of $ 
Building Fires 4% Loss he 
10. Agriculture 5 L.8 3,476 0 
55. Atomic Energy of Canada Limited 6 Lee 1,316 0 
33. Canada Post 8 259 61,394 mee 
66. Canadian Broadcasting Corporation z a 16,826 a 
85. Canadian Dairy Commission 1 4 31 Ol aoe 264 
32. Centennial Commission 6 Doe 504 20 
36. Correctional Service Canada 17 43.0 86 ,037 fs: 
29. Employment & Immigration 3 1 41,001 23 
15. Energy Mines & Resources 4 ieee, 4 AY 
18. Environment Canada 1 4 500 aU 
22. Environment Canada — Parks Canada 10 SAT) 214,979 la 
16. External Affairs 3 bet Shel Oey a0 
72. Fisheries and Oceans 6 ea) 72,002 04 
23. Indian Affairs and Northern Devl't 2 ay | 39,780 <2 
62. National Capital Commission i 4.0 101,853 6 
30. National Health & Welfare 2 ol 2 30 
31. National Revenue 4 tt) 1,003 0 
64. Northern Canada Power Commission 1 04 6,100,000 Sse, 
63. Ports Canada 6 Daas 3,005 20 
34. Public Works Canada 23 Bao 1,148,297 Jol 
37. Royal Canadian Mounted Police Z al 501 0 
69. Solicitor General 1 04 1 40 
14. Statistics Canada 2 “we 5,500 4) 
13. Supply & Services 5 ies: 2, 900 20 
39. Transport - Air Services SHY 13%6 70,445 04 
40. Transport - Marine 2 af, 4,415,000 Ziad 
65. Treasury Board 1 4 100 70 
41. Veterans Affairs 1 4 80 20 


TOTAL 272 100.0 16,182,432 100.0 
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TABLE 5 


FEDERAL FIRE LOSSES BY PROVINCE 


Prince Edward Island 
Newfoundland 

Nova Scotia 

New Brunswick 

Quebec —- Hull Area 

Quebec - Excludes Hull Area 
Ontario - Ottawa Area 
Ontario -— Excludes Ottawa Area 
Manitoba 

Saskatchewan 

Alberta 

British Columbia 

Yukon Territory 

N.W.T. Mackenzie District 
N.W.T. Keewatin District 
N.W.T. Franklin District 


Outside Canadian Territorial Limit 


Unknown 


TOTAL 


No. of 
Fires 


306 


100.0 


$ 


Loss 


4,400,000 
47 ,430 
200 ,002 
41,399 
7,451 
4,010,967 
105,841 
128,957 
73,534 
9,454 

915 
1,044,477 
0 
6,114,304 
9,002 

0 

3,050 

0 


16,196,783 


TABLE 6 


PROPERTY TYPE 


No. of 
Property Type Fires h 
Buildings - Single Occupancy 101 330 
Building - Multiple Occupancy 1% oh EMS 
Vehicle 29 one 
Open Structures - Includes a Roof 

With No Walls, Bridge, Trestle, 

Open Steel Framing 0 8) 
Tents, Air Supported Structures 0 0 
Outdoor Area Z el 
Underground Structure, Mine 1 3 
Piers, Wharves Zz | 
Unclassified or Unknown 14 4.9 

TOTAL 306 100.0 

TABLE 7 


OUTSIDE FIRE PROTECTION 


No. of 

Outside Fire Protection Building Fires % 
Municipal Hydrant Protection 

and Fire Department 220 80.9 
Municipal Fire Department only 20 7.4 
Federal Government Hydrant 

Protection and Fire Department 24 8.8 
Federal Government Fire 

Department only 2 of 
No Outside Fire Protection 2 Py 
Unclassified or Unknown 4 1.5 

TOTAL 272 100.0 


S$ Loss 


11,546,192 
178,790 


13,346 


2 
l 
4,401,000 


57,452 


16,196,783 


S$ Loss 


7,557,740 


8,484, 166 


94,132 


2,501 
34,781 


9,112 


16,182,432 


15 


71.3 


100.0 
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TABLE 8 


MANUAL FIRE PROTECTION EQUIPMENT 


No. of 
Building Fires 


Manual Fire Protection 
Equipment 


Extinguishers, Standpipe System 


and Manual Fire Alarm System 126 
Extinguishers and Standpipe System 72 
Extinguishers and Manual Fire 

Alarm System gat 
Extinguishers og 
No Manual Fire Protection 

Equipment 9 
Unclassified or Unknown 3. 

TOTAL 272 

TABLE 9 


SPRINKLER PROTECTION 


No. of 
Building Fires 


Sprinkler Protection 


Complete Sprinkler Protection 45 
Partial Sprinkler Protection 34 


Sprinkler Protection - Insufficient 


Information to Classify Further 0 
No Sprinkler Protection 184 
Unclassified or Unknown 9 

TOTAL 272 


100.0 


ho 


100.0 


S Loss - 


Delgiio2 


Ot), £22 


10,601,183 


4,187,258 


138,516 


56,002 


16,182,432 


S$ Loss 


61,668 


6,118,811 


0 
9,931,440 


70,013 


16,182,432 


TABLE 10 


AUTOMATIC FIRE DETECTION SYSTEMS 


Automatic Detection System 


No. of 
Building Fires 


Complete Fire Detection System SH 
Partial Fire Detection System 76 
Automatic Fire Detection System —- 
Insufficient Information to 
Classify Further 5 
No Automatic Fire Detection System 91 
Unclassified or Unknown 5 
TOTAL 272 
TABLE 11 
FIRE SERVICE 
No. of 


Fire Service 


Full Time Fire Department 
Volunteer Fire Department 


Combined Full Time and Volunteer 
Fire Department 


No Fire Service 


Unclassified or Unknown 


TOTAL 


Building Fires 


LA 


63 


28 


212 


yA 


Shey) 


IPSS) 


1.8 


oS 5) 


el 


100.0 


vA 


62 9 


2502 


10.3 


1.8 


1.8 


100.0 


$ Loss 


1,102,298 


6,317,510 


75,134 
8,637,189 


50,301 


16,182,432 


S$ Loss 


5305790 


14,685,710 


1,156,603 
9,200 


£29 


16,182,432 


V7 


53.4 


100.0 
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Property Management 


TABLE 12 


PROPERTY MANAGEMENT 


Nos ,Of 
Building Fires % 


Government Owned and Occupied 206 Leh 


Government Owned and Leased 
to Others 


Privately Owned and Leased to 
Government 


On Consignment —- Includes Property 
Under the Care, Custody and 


Control of Others 
Under Construction 
Privately Owned and Occupied 


Unclassified or Unknown 


TOTAL 


Year of Construction 


Before 
ike 74 be 
L9S0K= 
1940 = 
E9S0E 
1960. — 
19707 


1980 or Later 


Unclassified or Unknown 


TOTAL 


1920 
sss as} 
1939 
1949 
1959 
1969 
179 


52 11.8 

24 8.8 

4 tas 

1 04 

3 Ded 

5 Hage 

212 100.0 

TABLE 13 


YEAR OF CONSTRUCTION 


No. of 
Building Fires % 


a7. 6.3 
1 04 

6 2.2 
33 1 ae | 
18 6.6 
ae 11.8 
23 34.2 
O18) 20.2 
17 6.3 
272 100.0 


S Loss 


7,687,224 


4,654,351 


3,837,789 


63 
1 
3 


3,001 


16,182,432 


S$ Loss 


26,994 

1 
4,400,401 
23,162 
1,098,840 
9,976,552 
220,871 
354,052 
81,559 


16,182,432 


100.0 


100.0 


TABLE 14 


GENERAL CONSTRUCTION 


No. of 
General Construction Building Fires % $ Loss h 

Combustible Construction With Fire 

Resistance Rating Less Than 3/4 Hour 17 6.3 299 ,082 1.8 
Combustible Construction With Fire 

Resistance Rating of 3/4 Hour or Over 42 15.4 311,568 139 
Heavy Timber Construction 6 Diet 4,409,651 Pies 
Noncombustible Construction With Fire 

Resistance Rating of Less Than 1 Hour 59 tae? Oly 1/23 38.1 
Noncombustible Construction With Fire 

Resistance Rating of 1 Hour or Over 139 Sy Lee 98,02] 6 
Unclassified or Unknown 9 SAS) 4,892,387 80.2 

TOTAL 272 100.0 16,182,432 100.0 

TABLE 15 
NUMBER OF OCCUPANTS AT THE TIME OF FIRE 
No. of 

Number of Occupants Building Fires % $ Loss yA 
10 or Less 91 SOIR) 5 504,596 3402 
11 to 60 61 22.4 a yee bi Pe eR bo) BOa2 
61*tor100 44 16e2 10,475 ol 
LOLAtoe 300 oe 831 4,911 ae 
301 to 500 9 yee 766 =) 
501 to 1,000 9 BIE, 6,805 Ae. 
Over 1,000 2) 9.2 P3550 20 
Unknown ri 4.0 4,446,114 Zhe 

TOTAL 242 100.0 16,182,432 100.0 
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Property Value 


Less than $1,000 

$1,000 to $9,999 

$10,000 to $24,999 

S25, J00NTOns9 9.999 
$100,000 to $249,999 
20, C0GR Os p99 5999 
S1000 000" to 34,999,999 
$5,000,000 or over 


Unknown 


TOTAL 


Ground Floor Area 


1 - 100 m2 

101 - 500 m2 

501 - 1 000 m2 

1 001 - 2 500 m2 

2501 - 5 000 m2 

5 001 - 10 000 m2 

10 001 - 50 000 m2 
Over 50 000 m2 


Unclassified or Unknown 


TOTAL 


TABLE 16 


PROPERTY VALUE 


No. of 
Building Fires 


272 


TABLE 17 


GROUND FLOOR AREA 


No. of 
Building Fires 


/ ip 
50 
45 
Sy 
16 


2h2 


100.0 


h 


ee 
18.4 
16.5 
21.0 
a9 
8.1 
9.2 
1.8 
oo 


100.0 


S$ Loss 


26 
64,812 
38,501 

341,022 
235,030 

3,807 ,086 

5,480,369 

6,177,419 
38,167 


16,182,432 


SeLboss 


235,235 
4,131,763 
1,164,965 

10,517,022 

22-877 
8,339 
33,642 
9,361 
59,228 


16,182,432 


100.0 


ae 


100.0 


TABLE 18 


HEIGHT OF BUILDING 


ZL 


No. of 
Height of Building Building Fires % $ Loss hs 
One Storey 83 3065 4,400 ,584 Zied 
2 Storeys 93 34.2 6,207 ,430 38.4 
3 and 4 Storeys 4] {feo PEO) [6b/ 6.8 
5 and 6 Storeys 16 Ded 21,405 ol 
7 to 12 Storeys LZ 643 40,555 5S) 
13 to 24 Storeys i2 4.4 2,588 <0 
25 to 48 Storeys é| liek 102 Ae) 
Unknown 7 2.6 4,404,073 DI ez 
TOTAL 272 100.0 16,182,432 100.0 
TABLE 19 
LEVEL OF ORIGIN 
No. of 
Level of Origin Building Fires 4% $ Loss i 
Basement, Sub-Basement 2h Wot 131285569 6.9 
Crawl Space, Under Structure z Sf 6,106,000 Cy OR 
Ground Floor, Grade Level 145 3363 8,719,400 53.9 
2nd Storey 49 18.0 110,465 ay! 
3rd Storey 10 oe 3,063 m0) 
4th - 12th Storey (Inclusive) 13 4.8 5,861 0 
Over 12 Storeys Z a 101 a 
Roof Level - Includes Concealed 
Roof Space, Attic 10 Srey t 47 ,304 3 
Unknown 20 Tent 66 ,669 oH 
TOTAL 272 100.0 16,182,432 100.0 
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TABLE 20 


OCCUPANT OF AREA OF ORIGIN 


Occupant of Area of Origin Sai eee 
Owner or Employee kiS 
Lessee, Renter, Guest, Patient 130 
Maintenance Staff for Repair or 

Renovation u 
Contractor on Premises 3 
Trespasser 2 
Unoccupied, Includes Only Property 

Left Unoccupied Over 60 Days 3 
Vacant, Includes Only Property 

Without Contents 3 
Silent Hours 0 
Unclassified or Unknown 9 
TOTAL 272 


yA 


42.3 


47.8 


2.6 


100.0 


$ Loss 


10/335 271 


5,732,980 


529 
17,064 


60,001 


33 ,000 


Tey. 


16,182,432 


100.0 


Hour of Day 


:00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 
x00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 
:00 


oO ON DO FF WO NH & 


—S — 
So KS Oo 


— 
oO ON DON FEF WO DY & 


—_ — 
wo = 


TOTAL 


:00 AM 


PM 


TABLE 21 


No. of 
Building Fires 


HOUR OF DAY 


272 


Ds 


2.6 
2.9 
1.1 
2.6 
Let 
dal 
Jae 
4.8 
3.6 
Ziad 
9.0 
in) 
6.5 
Suge 
6.5 
a'65 
5.9 
4.3 
4.9 
52 
4.0 
6.9 
4.3 
4.0 


100.0 


S$ Loss 


277 
1,041,190 
51,002 
61,927 
41,109 
63,500 
4,004 
3,804,673 
22,249 
4,406,105 
3,003 

96 

75,042 
6,117,385 
97 ,848 
14,356 
7,885 
16,506 
78,534 

6 , 380 
205,589 
20,501 
2,066 
41,205 


16,182,432 


ie, 


100.0 
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Day of Week 


Sunday 
Monday 
Tuesday 
Wednesday 
Thursday 
Friday 
Saturday 


TOTAL 


Month of Year 


January 
February 
March 
April 
May 

June 
July 
August 
September 
October 
November 


December 


TOTAL 


TABLE 22 


DAY OF WEEK 


No. of 
Building Fires 


32 
36 
49 
46 
37 
40 
oe 


272 


TABLE 23 


MONTH OF YEAR 


No. of 
Building Fires 


oa 
ou 
24 
18 
20 
23 
Ey. 
ad 
20 
29 
21 
ws 


272 


he 


11.8 
Eoe2 
18.0 
16.9 
13.6 
14.7 
iT e7 


100.0 


$ Loss 


112,731 
91,823 
209,735 
116,620 
6,165,359 
5,496,968 
3,989,196 


16,182,432 


S$ Loss 


68,092 
7,077 
4,211 
116,744 
26 ,088 
1,014,924 

97,527 


10,556,004 


31,815 
301,973 
3,861,825 
96,152 


16,182 ,432 


100.0 


COMPARATIVE FIRE FREQUENCY RATES 


% NO. OF FIRES 


% NO. OF FIRES 


% NO. OF FIRES 


Zo 


FIG. 3 HOUR OF DAY 


10 
8 
6 
ne 

4 
2 

Carn BERENS) 

328 SBS 10 Year average 
, 


Dec 6384 eC} CS eo) 10° 11 Vek 2B OA See Ge ef a Oe OO ADe i 1 142 


SUN. MON. TUBS? WED. THUR: FRI. SAT. 


FIG. 5 MONTH OF YEAR 
12 


1983 


10 Year average 


26 
TABLE 24 


TRANSMISSION OF ALARM TO FIRE DEPT. 


Transmission of Alarm No. of 
to Fire Department Building Fires 4% 
Telephone 214 T1804 
Municipal Fire Alarm System 1 04 
Automatic Fire Alarm System 11 4.0 


Manual Fire Alarm System Includes 
Connections to Fire Department 


or Central Station 6 ioe 
Automatic Sprinkler System 3 1.1 
Direct Verbal Report to Fire Hall 7 2.6 
Siren 2 o/ 


No Alarm - Includes Alarms When 


Delayed Appreciably 26 9.6 
Unclassified or Unknown 2 mil 
TOTAL 272 100.0 

TABLE 25 


ACTION TAKEN 


No. of 
Type of Action Taken Building Fires % 
Extinguished by Occupant 168 61.8 
Burned Out — No Extinguishment Attempted Zo ee 
Extinguished by Fire Department 63 Zac 
Removal of Hazard - Includes Washdown, 

Spill and Removal of Equipment - 

Excludes Shutdown of Utilities 2 “a 
Shut Off Gas, Electricity or Oil 8 pe) 
Unclassified or Unknown 6 2e2 
TOTAL 272 100.0 


S Loss 


6,214,729 
6,100,000 


1052.67 


505 
40,099 
515 


15,001 


33 793,815 


2,001 


16,182,432 


S Loss 


67,923 
1,273,053 


14,776,400 


2,300 
7,155 


55,601 


16,182 ,432 


23 2 


100.0 


TABLE 26 


FORM OF HEAT 


No. of 
Form of Heat Building Fires % $ Loss pA 
Spark: Ember, Includes Flying Brand ile 4.0 4,446,474 ZA 
Spark: Electrical, Includes Arcs, 

Discharges - Excludes Spark 

Classified as Static Electricity 29 AO 3,888 ,876 24.0 
Spark: Static Electricity 1 04 7,000 me) 
Direct Flame 74 IAEA 188,705 oe 
Friction Heat 3 Let 326 0 
Hot Object - Direct Heat by 

Conduction or Radiation 33 jet 61,867 4 
Spontaneous Ignition —- Excludes 

Spontaneous Ignition of 

Incompatible Chemicals 6 2e2 2,204 0 
Heat From Smokers' Material - 

Excludes Matches, Lighters, 

Classified as Direct Flame 60 2201 9 3/23 ot 
Unclassified or Unknown 55 20.2 Ti oe ea aay 46.8 
TOTAL 272 100.0 16,182,432 100.0 

TABLE 27 
EXTENT OF FIRE DAMAGE 
No. of 
Extent of Fire Damage Building Fires % $ Loss 
Confined to Object of Origin 168 61.8 163,083 1.0 
Confined to Part of Room or 

Area of Origin 49 18.0 62,181 04 
Confined to Room of Origin Ti 6m 41,629 03 
Confined to Floor Area of Origin 5 Rs! 15,464 at 
Confined to Building of Origin 19 7.0 54318;,319 D269 
Extended Beyond Building of Origin 5 PRs) 10,543,200 65.2 
Confined to Roof 3 Ree | a1 004 abe 
Unclassified or Unknown 6 nee 1,055 of) 
TOTAL 272 100.0 16,182,432 100.0 
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TABLE 29 


1983 FIRE LOSSES IN PROPRIETARY CORPORATIONS* 


Schedule D - Proprietary Corporations 


Air Canada 


Canada Deposit Insurance Corp. 


Canada Development Investment Corp. 


Canada Mortgage and Housing Corp. 
Canadian National Railway 

Cape Breton Development Corp. 
Eldorado Resources Ltd. 

Export Development Corporation 
Farm Credit Corp. 

Federal Business Development Bank 
Federal Mortgage Exchange Corp. 
Freshwater Fish Marketing Corp. 
Northern Transportation Co. Ltd. 
Petro-Canada 

Polysar Limited 

Seaway International Bridge Corp. 
St. Lawrence Seaway Authority 
Teleglobe Canada 


Via Rail Canada Inc. 


TOTAL 


No. of $ 
Fires Loss 


0 0 


Nil Submission 
Nil Submission 


PZ 65,013 

88 837,750 

3 470,387 

10 684 ,346 

0 0 

0 0 

0 0 
Nil Submission 

0) 0 

0 0 

Z3 435,830 
Nil Submission 

0 0 

1 6,000 

0 0 


Nil Submission 


137 2,499 ,926 


* Not included under the provision of the Fire Losses Replacement Regulations 


or the Government Property Fire Prevention Regulations. 


APPENDIX “A” 


FIRE LOSSES ON INDIAN RESERVES 


1983 
Fire 
Population* No. Dollar Per Fire Fire Death 
(Reservations) Fires Loss Capita Deaths Injuries Rate** 
ZAD I IOS 159 2,839,201 13.47 oo 20 13°76 
* Figure is for 1982. 
xx Fire Death Rate is the number of fire deaths per 100,000 Reservation 
population per annum. 
Details of Fires Resulting in Deaths 
No. of No. of 
Description Deaths Description Deaths 
a. Property Classification f. Month of Occurrence 
Garbage Disposal Unit 1 January 0 
Dwellings 28 February 0 
29 March 4 
April ) 
b. Property Type May 3 
June 0 
Building, single occupancy 25 July 1 
Multiple occupancy 1 August 4 
Unknown mel September 1 
29 October 1 
November 6 
ce. Property Management December me) 
29 
Privately owned and occupied 19 
Privately owned, leased to g- Primary Act or Ommission 
Government o 
Under the care, custody, Misuse of Source of 
control of others 3 Ignition 1 
Unknown oo Influence of Alcohol 5 
29 Child Playing with 
Matches 1 
d. Occupants at Time of Fire Asleep ] 
Human Failing is 
0 910 25 Suspected Arson 4 
Unknown _4 Construction Deficiency 1 
29 Misuse of Material 
Ignited 1 
e. Year of Construction Unknown 14 
29 
4930"= 4939 2 
1940 - 1949 1 
1950 = 1959 3 
1960) -— 1969 3 
L9703= 12 
Unclassified or Unknown 28) 


ine) 
Ne) 


a 


10. 
ii. 
ae 
Soe 
20. 
21. 


30. 
SLs 


40. 
50. 
60. 
70. 
80. 
90. 
ol 
92. 
95. 


99. 


DETAILS OF INDIAN FIRE LOSSES 


No. of Fires % SLoss is Deaths 
FIRES BY PROVINCE 
Prince Edward Island 1 6 1 0 0 
Newfoundland 0 a6) 6) Aw 0 
Nova Scotia 0 <0 0 a?) 0 
New Brunswick 4 Dad 72 a8) 0 
Quebec —- Hull Area 0 <0 0 0 0 
Quebec — Excludes 
Hull Area 10 6.3 227 , SOM: 8.0 2 
Ontario - Ottawa Area 6) «A 0 <0) 0) 
Ontario —- Excludes 
Ottawa Area ve See) 0105657 7eZico 3 
Manitoba 29 18,02 413;900 14.6 7 
Saskatchewan 24 Rove! 6105066 ~225 6 
Alberta 3 tag 68,001 2.4 Z 
British Columbia 34 ZU 4 859 00374230735 9 
Yukon Territory 0 0 0 0) 0 
N.W.T. Mackenzie District 1 6 50,000 128 0 
N.W.T. Keewatin District 0 0 0 AY, 0 
N.W.T. Franklin District 0 A) 0 AY) 0 
Outside Canadian 
Territorial Limits 6) a) 0 <0 ) 
Unknown 0 Ae) 6) AD) 0 
TOTAL 159 100.0 2,839,201 100.0 29 
No. of Fires ve SLoss 
PROPERTY MANAGEMENT 
Owned and managed by 
Indian Band al 760) 1264/20 
Indian owned and occupied 
(dwelling, barns, mercantile, 
etc.) 20 12.6 746,964 
Privately owned and occupied 118 74.2 1,896 ,438 
Vehicle (owned by Indian) 0 AG 0 
Unclassified unknown or not 
applicable 10 G3 69 ,079 
TOTAL 159 100.0 2,839,201 


Injuries 


eS) ey SEUSS) ES Ow eo: © © oT1e 


Oo @ 


i) 
o>) 


h 


100.0 


OCCUPANT OF AREA OF ORIGIN 


Owner or employee 

Lessee, renter, guest 

Maintenance staff for repair 
or renovation 

Contractor on premises 

Trespasser 

Unoccupied, includes only 
property left unoccupied 
over 60 days 

Vacant, includes only property 
without contents 

Occupant of area of origin - 
unclassified or unknown 


TOTAL 
PROPERTY *FYPE 


Buildings - single occupancy 

Building - multiple occupancy 

Vehicle 

Open structures —- includes a 
roof with no walls, bridge, 
trestle, open steel framing 

Tents, air supported structures 

Outdoor area 

Underground structure, mine 

Piers, wharves 

Unclassified or unknown 


TOTAL 
GENERAL CONSTRUCTION 


Combustible construction - 
wood frame, canvas, brick, etc. 

Steel frame - combustible roofs 
and floors 

Noncombustible construction with 
fire resistance rating of less 
thany)fhour 

Nomcombustible construction with 
fire resistance rating of 
l hour or over 

Unclassified, unknown or not 
applicable 


TOTAL 


159 


SLoss 


1, 9695358 
284 ,746 


201,200 
10,000 
34,000 
38,402 

9,000 

292,495 


2,839,201 


2,515,682 
293,663 
3,001 


0 
0 
e252 
0 
15,000 
9,603 


2,839,201 


2,658,594 


16,000 


850 


0 
163,757 


2,839,201 


a 


9526 


aa 


34 


YEAR OF CONSTRUCTION 


19500= 1950 
1940 - 1949 
ee 8S Magee AS 
£9600 to 
1970 


Unclassified or unknown 


(Includes other than buildings) 


TOTAL 


GROUND FLOOR AREA 


1. 100 m2 
101 - 500 m2 
501 - 1 000 m2 
1 001 - 2 500 m2 
Over 2 500 m2 
Unclassified or unknown 


TOTAL 


HEIGHT OF BUILDING 


One storey 

Two storeys 

Three storeys 

Four storeys 

Five storeys 
Unclassified or unknown 


TOTAL 


BUILDING CAPACITY 


(No. of occupants) 


to. 10 
Unclassified or unknown 


TOTAL 


PROPERTY VALUE 


Under $1,000 

$1,001 - $3,000 

$3,001 — $5,000 

$5,001 - $10,000 
$10,001 - $15,000 
$15,001 -— $30,000 
$30,001 - $100,000 
$100,001 and over 
Unclassified or unknown 


TOTAL 


13 


159 


159 


SLoss 


294 ,627 
181,788 
210,315 
419,539 
1,326,545 


406 ,387 


2 ,839 ,201 


1,973,021 
581,590 
76,953 
80,001 
250 

127 ,386 


2 ,839 ,201 


Jog S/he ge UW ks, 
636 ,871 

0 

0 

0 

24,255 


2 ,839 ,201 


2,762,003 
77,198 


2,839,201 


94127 
73,102 
511,082 
1,892,932 
202 ,000 
600 

250 

0 

156,108 


2 ,839 ,201 


No. of Fires 


FIRE SERVICE 


Municipal fire department 9 
Band fire department 96 
"Bucket" brigade and volunteer 
fire department 8 
No fire service 43 
Unclassified, unknown or not 
applicable 3 
TOTAL 159 


TRANSMISSION OF ALARM TO FIRE DEPT. 


Telephone 9) 
Shouted 'local' alarm se 
Siren or police radio 4 
No alarm 44 
Unclassified or unknown 4 

TOTAL 159 


ACTION TAKEN 


Extinguished by occupant tM 

Burned out - no extinguishment 
attempted ° 52 
Extinguished by fire department rir 

Burned out, extinguishment was 
attempted 1 
Unclassified or unknown 6 
TOTAL 159 


OUTSIDE FIRE PROTECTION 


Municipal hydrant protection and 


fire department 45 
Local fire department - well, 

lake, river 45 
Hydrant protection and 

band fire department 7 
Band fire department 

tankers only 3 
None 51 
Unclassified or unknown 8 

TOTAL 159 


SLoss 


50,587 


130935701 


184,536 
920,552 


89.825 


2,839,201 


1,549,321 


181,114 
104,800 
936 ,466 
67,500 


2,839 ,201 


32,532 


1,465,379 
1,219,188 


37 ,000 
85,102 


2,839,201 


655,410 
626,851 
211,035 


27,001 


1,214,052 


104,852 


2,839,201 


xe 


35 


36 


No. of Fires 


MANUAL FIRE PROTECTION FACILITIES 


Extinguishers, standpipe system 
and manual fire alarm system 

Extinguishers and 
standpipe system 

Extinguishers and manual fire 
alarm system 

Extinguishers 

Manual fire alarm system 

No manual fire protection 
facilities 

Unclassified, unknown or not 
applicable 


TOTAL 


AUTOMATIC FIRE DETECTION SYSTEMS 


Complete fire detection system —- 
alarm to fire department or 
central station 

Automatic fire detection system - 
insufficient information to 
classify further 

No automatic fire detection system 

Unclassified, unknown or 
not applicable 


TOTAL 


SPRINKLER PROTECTION 


Complete sprinkler protection - 
Supervised or standard 
watchman service 

Sprinkler protection - 
insufficient information 
to classify further 

No sprinkler protection 

Unclassified, unknown or not 
applicable 


TOTAL 


159 


14 


159 


SLoss 


97,254 
168,048 
61,001 
907 ,638 
250 
1,338,365 
266,645 


2,839,201 


28,250 
69,702 
2,590,933 
150,316 


2,839,201 


250 
10,001 
2,802,897 
26 ,053 


2,839,201 


100.0 


100.0 


No. of Fires io SLoss 
LEVEL OF ORIGIN 


Basement, sub-basement 13 8.2 149 ,903 
Crawl space, under structure 16 LO. 361,847 
Ground floor, grade level 99 62 43 1,942,668 
2nd storey 6 358 99,700 
Roof level - includes 
concealed roof space, attic 9 Ds, 132 ,539 
Unclassified or unknown 
(Includes other than buildings) 16 RO ad 152,544 
TOTAL 159 100.0 2,839,201 


EXTENT OF FIRE 


Confined to object of origin 25 1b 64 346,585 

Confined to part of room or 
area of origin 23 145 79.5105 
Confined to room of origin 6 368 15,802 
Confined to floor area of origin 13 8.2 202,036 
Confined to building of origin 74 46.5 1,815,494 
Extended beyond building of origin 6 3.8 258 ,000 
Confined to roof 4 Zon 33520) 
Unclassified or unknown 8 50 38,978 
TOTAL 159 100.0 2,839,201 


EXTENT OF DAMAGE 


Confined to object of origin 24 Ls ei 398,684 
Confined to part of room of 

area of origin 17 10:57 29,405 
Confined to room of origin 4 Zo 50,801 
Confined to floor area of origin 14 8.8 124,800 
Confined to building of origin ihe) 49.7 1,836,031 
Extended beyond building of origin » Bel 237,000 
Confined to roof 4 2 89,201 
Unclassified or unknown sh (es 425909 


TOTAL 159 100.0 2,839,201 


38 


No. 


FORM OF HEAT 


Spark: ember, includes flying 
brand 
Spark: electrical, includes arcs, 


discharges - excludes spark 
classified as static electricity 

Spark: Static electricity 

Direct flame 

Friction heat 

Hot object - direct heat by 
conduction or radiation 

Spontaneous ignition - excludes 
spontaneous ignition of 
incompatible chemicals 

Heat from smokers' material - 
excludes matches, lighters, 
classified as direct flame 

Unclassified or unknown 


TOTAL 


MONTH OF YEAR 


January 
February 
March 
April 
May 

June 
July 
August 
September 
October 
November 
December 
Unknown 


TOTAL 


DAY OF WEEK 


Sunday 
Monday 
Tuesday 
Wednesday 
Thursday 
Friday 
Saturday 
Unknown 


TOTAL 


of Fires 


11 


100.0 
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REFNO LENNON ND WR UE 
e* eno 62 -e 
HOMOLFNNNNHWO™N OO 


17.6 
10.1 
10.7 
[dead 
12.6 
12.6 
17.0 

3.8 


100.0 


SLoss 


289 , 300 


156,126 
10,000 
619,176 
1 


427,458 


14,000 


217,414 


1,105,726 


2,839,201 


420,727 

59,254 
231,908 
304,303 
338,878 

83,001 
126,901 
2708272 
139,000 
193,297 
424,602 
218,245 

28,813 


2,839,201 


524,852 
299 ,652 
226,129 
476,014 
322,794 
483,057 
420,465 
86 , 238 


2,839,201 
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e e e e e 
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HOUR OF DAY 


OONDU HS WH FE 
(2) 
Ss 


Unknown 


TOTAL 


No. of Fires 
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100.0 


SLoss 


88,001 
99 ,000 
121,001 
52,000 
168,600 
182,769 
56,251 
97,953 
52,002 
145,027 
103,502 
139,327 
301,975 
58,953 
170,921 
209 ,026 
63,500 
57,001 
59 ,626 
54,300 
3,000 
103, 260 
29,001 
0 
423,205 


2,839,201 
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TABLEAU 28(b) 


BIENS PAR RAPPORT A LA SOURCE DE CHALEUR DE L* INFLAMMATION 


Matériel de Matériaux 
distribution Accessoires et lieux 
BIENS Matériel de Matériel de Articles de et matériel Autre Flammes exposés a TOTAL 


chauffage cuisson de fumeurs 1'électricité électrique matériel l'incendie Divers 


Pertes Pertes Pertes Pertes Pertes Pertes Pertes Pertes Pertes Pertes 


# (en $) # (en $) Cen S)) Gi (en $) i (en $) # (en $) # (en $) # (en S$) # (en $) # (en $) 


Etablissement 

de réunion 1 1 2 D 1 2 4 8,002 3 So 2 7,001 1 20 0 0 4 2402 29 ihe i/eM 

Etablissement 

institutionnel 0) 0 2 26 74 10,418 1 750 0) @) l 500 17 8,548 1 IL BR 52,426 118 72,669 

Habitation 8 82,602 4 66,830 2 1,600 2; 3} OG, 1 230 1 tS 1 10,000 0O 6) ia L067 ROT 26 1,231,404 

Etablissement 

d'affaires 2 2 2 a 15925998 7 20,006 6 52 OW 7/ 4 en SOS! 4 2ZE002 525 2 O00 LO 66,442 Sy 147 ,032 

Etablissement 

commercial 0 0 1 1 0 0) 0 0) 6) 0 0 0 0) OF 70 0 2 200,001 3 200,002 

Etablissement 

industriel 0 6) il 50 2 241 0 0) 0 0 0 0 0 0 O 0 5 97,399 8 975690 

Entrep6t 3 B02 0 0) 2, a 0 0) MSI esoses1/5) 1 3,000 3 WS 2002 © 6) 1 2,000 12 3,809 ,681 

Etablissement 

Spécial 0 0 0 0 2S), OO! 2 2 3 3 3 L216 6 4,400,005 0 OeES 10,208 29 4,414,345 

Divers 4 653 1 1 0 Oz 68 ,328 2 MESSY OMI 0) 0) 4 Onl OLR 85 0 0 6 335400 29 6,206,169 
TOTAL 18 86,760 Se 66,912 LOOSE 272) 2S NOORISS m= 35843-33789 12. 134 oe Some LORS SAR S62. 3) 92 ,001N 7 0 8 15315356 98065 516,196,753 


Note: Un supplément de ce rapport est disponible pour des renseignements plus détaillés. 


62 


TABLEAU 28(a) 


CATEGORIE DE BIENS IMMOBILIERS PAR RAPPORT AU FAIT (OU OMISSION) PRINCIPAL 


8¢ 


CATEGORIE DE 
BIENS 
IMMOBILIERS 


Etablissement 
de réunion 


Etablissement 
institutionnel 


Habitation 


Etablissement 
d'affaires 


ftablissement 
commercial 


Etablissement 
industriel 


Entrepoét 


Etablissement 
spécial 


Divers 


TOTAL 


# 


65 


83 


C 
d 
Vv 
fo) 
i 
Vv 


rime 
‘incendie 
olontaire 
u autre 
ncendie 
olontaire 
Pertes 
(en $) 
2,400 


38 ,617 


17/7) 


5,540 


300 


DI ,OUS 


14 


Bil 


iL 


for 


73 


Mauvais 
usage d'une 
source d'in- 
flammation 
Pertes 


i (en $) 


33 


13,002 


4,403,004 
986 


4,479,505 


17 


Mauvais 

usage 

d'une Défaillance 
matiére mécanique ou 


enflammée défectuosité 


eee ene ee ee ee ee ee SS Se 


Pertes 
# (en S$) # 
D 8 
Ys M38} 2 
27,00) 8 
S001 718 
0) 1 
0 1 
0 5) 
TOO2 1S 
1,201 14 
39,400 72 


Pertes 


(en $) 


9,354 


Ys 


19,666 


2,600 


3,794,676 


10,334 
66,606 


3,977,575 


0 


2 


0 


5 


8 


Défaut de 
design, de 


construction 
ou d'instal- 


lation 


# 


Pertes 


(en $) 


66,000 


0 


6,105,450 


6,171,451 


Mauvais 
usage de 
matériel 


it 


Pertes 


(en $) 


22,000 


50 


22,052 


ll 


Erreur 
humaine 


Pertes 


(en $) 


2,477 


Accident 
de 
véhicules 


Pertes 


# (en $) 


i) 


16 


nn 


ioe) 


38 


# 


Divers 
Pertes 
(en $) 


6,001 


20,898 


1,040,052 


61,694 


200,000 


89,000 


2 


2 
SOO 


1,449,250 


118 


26 


52 


12 


TOTAL 


Pertes 


(en $) 


LH 


72,669 


1,231,404 


147,032 


200,002 


97,690 


3,809,681 


4,414,345 
6,206, 169 


16,196,783 


oS ee ee ee ee 


Note: Un supplément de ce rapport est disponible pour des renseignements plus détaillés. 
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